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GP RECEPTACLE 

SET AND 2 SPARE 
MCKS ON CONSOLE 
(TYPICAL) 



IN BOTTOM OF 
CONSOLE U.O.N. SEE IG 
RECEPTACLE OETAIL ON 
DWG. £-3, SEE GENERAL 
NOTE 9 ON DWG. E~1 



SEE EQUIP. LEGEND 

ON DWG. E-7 (TYPICAL) 



CONSOLE INTERNAL WIRING 

BALLAST BOX PROVIDED WITH 
CONSOLE FOR LTG. & VENTILATION 

#2 


8"x8"x4" 

INCOMING POWER CIRCUITS 

(5~1/C#8» 4-1/C#10. 1-1/C#10G 
7-1/C#10 IG IN 1 1/2 M C) 
SEE PLAZA LEVEL PLAN 
AND RISER ON DWG. E-7 


EXISTING FIRE COMMAND 
PANELS 




INCOMING EMPTY 1 H TELEPHONE CONDUIT 
(W/ DRAG LINE) AND JUNCTION BOX(6 H x6"x4 M ) 

•FA CONTROL WIRING TO FCC CONSOLE IN TC. 
EMBEDDED IN SLAB BELOW TRAVERTINE FLOOR. 
AT CONSOLE ROUTE WIRING TO NCC'3 VIA 
CABLE TRAYS. SEE SECTION ON DWG. E-7. 
AND ARCHITECTURAL DRAWINGS. 


TELEPHONE 
CONDUIT DOWN 
TO CONCOURSE LEVEL 
VERTICALLY VIA 
STAIRWELL. ROUTE 
ALONG WITH POWER 
CONDUITS TO FIRE 
COMMAND CENTER 


4§ 


12 



SCALE IN FEET 


NOTES: ' 

1. ROUTE ALL POWER AND TELEPHONE CKTS. IN CONSOLE IN 
FMC FROM JUNCTION 80X VIA CABLE TRAY TO RECEPTACLES 
AND PHONE OUTLETS AS NOTED. SEE WIRING DIAGRAMS ON 
DWG. E-10. 


2. TWO 1 1/2"C WITH DRAG LINE FOR FUTURE GLOBAL NETWORKING 
CABLE. CORE DRILL THROUGH FLOOR INTO CEILING ABOVE CONCOURSE 
LEVEL. ROUTE CONDUITS TO ACCESSIBLE LOACTION AND TERMINATE. 




TEL. 
CLOS. 

PLAZA LEVEL - PLAN 


O 3 2 

SCALE IN FEET 


64 


5-1/C#8, 4-l/C#!0, 
t-1/C#10G, 7-1/C#10IG 
IN t 1/2"C FROM ELECTRIC 
CLOSET TO FCC CONSOLE < 


10 M x10"x4 

PULLBOX 

(TYPICAL) 
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ROUTE VIA EX. CONDUIT 
RACKS OVER ROADWAY U.O.N 



ROUTE CONDUITS DOWN 

THROUGH FLOOR SLAB 

INTO CEILING ABOVE 

"THE LIMITED**. STORE ON 

CONCOURSE LEVEL 

AND THEN INTO STAIRWELL 

'B' 

SEE SUBGRADE 'B1' 
PLAN FOR 
CONTINUATION 


STAIRWELL *& 


PULLBOX 6*X6"X4" 


f C WITH DRAG LINE 
FOR FUTURE TELEPHONE 
CABLE. TERMINATE ABOVE 
TTB 
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Title 


FIRE COMMAND 
CENTERS 


5-1/C#8, 4-1/C#10, 3-1/C#10G 
7-1/C#10G IN 1 1/2"C. UP TO FCC CONSOLE, 
ROUTE CONDUIT VERTICALLY UP THROUGH 
STAIRWELL TO CONCOURSE LEVEL. SEE PLAZA 
PLAN FOR CONTINUATION. SEE RISER DIAGRAM 
AND DETAIL ON DWG. E-7 


TRUE AND CORRECT 


DATE ?W 



ELECTRICAL 


BUILDING FOUR 
PLANS 


This drawing subject to conditions in controct 
Alt inventions, ideas, designs ono* methods 
herein ore reserved to Port Authority and! 
moy not be used without its written consent. 
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SUBGRADE Bf LEVEL - PART PLAN 



SCALE IN FEET 


BUfLDINQ FOUR 
KEY PLAN 

(SEE DWGS. T-2 & T 
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